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(b) The amount so deposited with tile utility shall be refunded or credited
to the consumer, as a part of the settlement of the disputed account if the meter
is found, when tested, to register more than 3% fast, otherwise the deposit
shall be retained by the utility.
(c) A consumer may be present when the utility conducts the test on his
meter, or, if he desires, may send an expert or other representative appointed
by him.
(d) A report giving tile name of the consumer requesting the test, the date
of the request, the location of the premises where the meter liasfbeen installed,
the type, make, size, and serial number of the meter, the date of removal, the
date tested, and the result of tile test, shall be kept by the utility.
7. Adjustment of Bills for Meter Error. (a) Fast Meters. If on test of any
electric meter made by the Comnission, as may be later authorized, or the
utility under Paragraphs 5 and 6, whether at the request of a consumer or not,
it may be found more than 3% fast, tile utility shall adjust tile measured units
from tile date of the last meter reading to the time tie meter was removed
or corrected so as to reflect tile correct usage in rendering tie ensuing bill. In
addition the. utility shall refund or credit the consumer the difference between
the amount billed and the estimated amount which should have been billed for
service supplied during the two previous billing periods. If the meter has not
been in service for the full two billing periods covered by the bills previously
rendered or if the date of error call be fixed to be within the two billing
periods covered by the bills previously rendered, then the estimated amount to
be refunded to consumer shall reflect these facts.
(b) Slow Meters. If on test of any electric meter made by the Commission,
as may be later authorized, or by the utility ut6der Paragraphs 5 and 6, whether
at the request of the consumer or not, it be found more than 3%  slow, the
utility shall adjust the measured units from the date of the,,last meter reading
to the time the meter was removed or corrected, so as to reflect the correct
usage, in rendering the ensuing bill. In aidition the utility may collect from
the consumer an amount estimated to be due from the consumer for the elec-
tricity used but not charged for in the bills rendered for service supplied dur-
ing the two previous billing periods. If the meter has not been in service for
the full two billing periods covered by the bills previously rendered or if the
date of error can be fixed to be within the two billing periods covered by the
bills previously rendered, t'e the estimated amount due from customer shall
reflect these facts.
RULE 6.        OPERATION OF UTILITY
1. Standard Frequency. Each utility supplying alternating current, shall
adopt a standard frequency, the suitability of which may be determined by the
Commission, and shall maintain this frequency within 15 seconds plus or minus
of standard at all times during which service is supplied; provided, however,
that monetary variations of frequency of more than 15 seconds, which are clearly
due to no lack of proper equipment or reasonable care on the part of the utility,
shall not be construed a violation of this rule.
2. Standard Voltage. Each utility shall adopt standard average voltages for
its different classes of constant voltage service. The voltage maintained at the


